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aBstract

the paper considers a possible method of technical diagnostics of electrical equipment of power supply systems and electrical substations based on the fuzzy sets and fuzzy logic. it is shown that, based on the matrix of fuzzy relationships, one can make a plausible enough prediction about possible malfunctions and causes of failures. the prerequisites for this analysis are the current condition (state) of the electrical equipment and expert assessments of diagnostic signs. the paper shows the comparison made using the features scale of saaty, in accordance with nine degrees of preference. 

at the core of fuzzy expert assessments is an attempt to formalize linguistic information, namely linguistic variables whose meanings can be words or phrases. the paper presents a complete range of preconditioned defects consisting of m factors and their corresponding space conclusions as to the causes of these malfunctions (defects) of n symptoms. fuzzy causal relations in the space of underlying factors are established between the assumptions and conclusions of the experts. the resulting system of equations is solved by the method based on the composition of fuzzy conclusions. possible failures are ranked according to the experts’ preference, which reveals the most significant symptoms of malfunctioning and allows arriving at the conclusion as to the future operation of the facility. the validity of the provisions of the method presented is confirmed by appropriate calculations, which demonstrates the correct behavior of the model concerning the transformer equipment. 

it is shown that in case of the fuzzy symptoms occurrence and evaluation of these features by a scale of preferences, it is possible to conclude about the further operation of electrical equipment or its withdrawal for repair. thus, the mathematical model based on the fuzzy relations of symptoms selected using the experts’ estimations contains elements of predicting the possible failures of power systems electrical equipment. 

 Keywords: electrical equipment, expert evaluation, fuzzy logic, technical diagnostics, transformers 1  introduction

transportation (transmission) of electricity from the source to the consumer involves several stages, including: changing the voltage of electrical energy delivered by power station buses; transmitting electric power by power system grids (networks) to the centers of consumption; converting the voltage up to the rated voltage level at the power consumer end. changing the voltage and the angle of vectors is necessary to reduce losses and increase the amount of energy transmitted through networks of electric power systems and power supply systems. 

furthermore, in many cases, applying reactive power compensation is required for voltage regulation, improving static and dynamic stability and limiting switching surges. it is known that power transformers can convert voltage and shunt reactors are used as a means of reactive power compensation. the duties power transformers and shunt reactors are designed for are different, but their construction and types of faults related to both transformers and reactors operation allow us to refer to them as “transformer equipment.” 

the term “transformer equipment” includes power transformers and oil shunt reactors, the design of which is similar, and, in the context, we are interested in diagnosing these devices as having the same defects and symptoms. along with this, it is necessary to diagnose the 
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2  stateMent of the proBleM (proBleM stating) 2.1  description of the system

the term “rapid diagnosis” includes the collection of data on the state of the transformer equipment in operation and its analysis aimed at evaluating its technical condition. such a diagnosis can be made after the inspection of the electrical equipment and detection the signs of its malfunctioning. symptoms can be numerous, but in practice, only some of them occur frequently: p1 – transformer equipment overheating; p2 – increased vibration and transformer equipment noise; p3 – a high leakage current through the insulation of high-voltage input; p4 – moistening the transformer oil. 

the main prerequisites or causes of these faults can be the following: g1 – high ambient temperature; g2 – failure of the cooling system of the transformer equipment; g3 – overcur-rent; g4 – the fire of the magnetic steel; g5 – phase load asymmetry; g6 – the damage inside the transformer tank or reactor. it is worth noting that, as a rule, the fault causing profound changes in the transformer or reactor (short circuit, intensive gassing), is cleared by relay protection and is not considered in the paper. But there are developing defects which do not cause any serious deviations (faulty performance) in the short term, and, therefore, provide time for them to be recognized and the appropriate action to be taken. 

symptoms’ comparison is made taking into account one of the causes of the fault. the essence of the method lies in the fact that a man is more accustomed to set variable values as words rather than numbers as well as to receive and reproduce the information that contains the erroneous components. the theory of fuzzy sets allows us to formalize linguistic information for building mathematical models. this is based on the idea that the components of a given set of elements having a common property may possess it in varying degrees and, therefore, belong to this set in varying degrees. a linguistic variable is the one the value of which can be a word or phrase. every day, we make decisions based on the linguistic information such as “very high temperature”; “an exhausting trip,” etc. [1]. this information is not based on precise definitions, therefore, it is fuzzy. 

2.2  Mathematical model of expert evaluations we will consider the mathematical model of technical diagnostics, used for power and industrial electric equipment. this model is based on the indistinct relations between predicted and real causes of failures. the main advantage of this model is that it does not require the crea-tion of a base of fuzzy rules, but requires only the solution of a system of linear algebraic equations. 

we will assume the following model of transformers’ technical diagnostics which is based on a fuzzy relations matrix which, in its turn, requires some expert estimates. these linguistic estimates are represented as some points of the membership function reflecting the expert’s subjective perception of the failure, based on the expert’s experience and knowledge. 

let the description of the total space of X predicted failures (prerequisites) consist of m factors, and total space of y causes (failures) of these failures consist of n symptoms. 
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3  Method proposed

to facilitate the search for failure causes and their clearing, the most typical failures in the performance (operation) of oil tank switches and methods checking characteristics are given below. 

the problem of failures and faults is to be solved taking into account the following:

•   in many cases the detected failure can appear to be the cause or a consequence of a failure of another node; for example, nonconformity (incongruity) of a drive parameter can result in mismatching the switch parameters; 



• the quality of the maintenance aimed at clearing faults and eliminating failures, as a rule, has to be confirmed by the switch parameters check-out reports; moving elements (drives) should be certified for speed and time parameters; 

•  in case of sharp changes in parameters within standard limits, it is necessary to carry out changes’ analysis. 

we will accept the model similar to that given above, in application to transformers diagnostics. for high-voltage switches, the space of predicted failures and causes will be, of course, different. the experts’ assessment will be different too. 

let the failures detected in the high-voltage switch be the following: y1 – the switch fails to switch on; 

y2 – gas escaping; 

y3 – air escaping. 

the list of failure causes is given below in accordance with the above-mentioned ones: x1 – a control coil circuit break; 

x2 – the lack of contact in a trip-free release device; x3 – welding defects or case material defects; x4 – the gas pressure sensor failure; 

x5 – the gasket valve damage caused by the entry of alien particles. 

there are some unclear causes between x  and y r = x  → y which are after – effect relations i

i  ij 

i

i 

which can be represented as some R matrix with the r d [0.1] elements. predicted failures ij 

(prerequisites) and causes (failures) can be considered as indistinct sets, A and B on space of X and Y. 

the relation (ratio) between these indistinct sets can be written as B = A•R, 

where “•” is the rule of indistinct causes’ composition. 

in this case, the decision direction is the opposite to that of the rules development d. in case of diagnostics, r matrix (the knowledge of experts) is used and predicted failures (prerequisites) are defined. 

taking into account the abovementioned, it is possible to make a block diagram of matrixes of the possible failure causes and their consequences, using the theory of fuzzy relations and experts’ estimates. 
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 V. Manusov et al., Int. J. of Energy Prod. & Mgmt., Vol. 3, No. 2 (2018) let us analyze an example when a diagnostics expert’s report on a high-voltage switch is given in the form of matrixes of fuzzy relations between the failure causes and their consequences
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the switch having been examined, the state of the switch can be estimated as a correlation function

B = 0.7/y1 + 0.4/y2 + 0.1/y3. 

it is necessary to define a predicted cause of this state A = a1/x1 + a2/x2 + a3/x3 + a4/x4 + a5/x5. 

the ratio of the fuzzy sets included can be transposed and showed as fuzzy vectors – columns
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when using a composition “max – min” (taking maximum from minimum), the latest ratio will be transformed to

0.7 = (1∧a1)∨(0.9∧a2)∨(0.2∧a3)∨(0.4∧a4) )∨(0∧a5) 0.4 = (0∧a1)∨(0.1∧a2)∨(0.9∧a3)∨(0.8∧a4))∨(0.6∧a5) 0.1 = (0∧a1)∨(0.1∧a2)∨(0.7∧a3)∨(0.2∧a4) )∨(1∧a5) from the first equation the following is received: 0.7 ≥ 1.0∧a1, a1 ≤ 0.7

from the second equation the following is received: 0.4 ≥ 0.9∧a3, a3 ≤ 0.4

from the third equation the following is received: 0.1 ≥ 1.0∧a5, a5 ≤ 0.1

thus, this system of the equations shows that the following causes of failures are the most predictable:

•  a control coil open circuit = 0.7; 



• welding defects or case material defects = 0.4; 

•  the gasket valve damage caused by the entry of alien particles = 0.1. 
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3.1  the mathematical model based on the degree of preference we have assumed that there are all four symptoms. let’s compare these symptoms, using the fundamental scale of saaty [2] which has nine degrees of preferences: 1 degree – equal preference; 2 degree – a weak degree of preference; 3 degree – an average degree of preference; 4 degree – higher than average preference; 5 degree – moderately strong preference; 6 degree – strong preference; 7 degree – very strong (obvious) preference; 8 degree – very, very strong preference; 9 degree – the absolute priority. if the symptom of a has a moderately strong degree of preference over the symptom B, the latter has the opposite degree of preference over a. 

the following matrices present the degree of preference of one over another symptom of the trouble given of the presence of one of the six prerequisites. 
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calculation of the relative importance indices of the criteria has been carried out by the paired comparisons method of the fundamental scale of saaty. the following linguistic pairwise importance comparisons criteria g1-g6 are considered to be well known:
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1
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0.082; α  = 0.456, it means that the most important prerequisites are g2 and g6. the maxi-6

mal eigenvalue of the vector is λ  = 6.254, the index of judgment consistency is ic = 0.05. 
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after that we have calculated the fuzzy sets from the following expression m (p ) = min( m (p ))
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the intersection of these fuzzy sets gives the following degrees of the fuzzy decision  
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it testifies that the combination of the increased vibration and the noise of the transformer equipment dominates all other symptoms. 

it is shown that the presence of symptoms and evaluation of these symptoms by the scale of preferences from fuzzy information on the possible causes, taking into account the expert judgment, it is possible to conclude. in this case, the increased vibration and noise can be caused by malfunctioning of the cooling system or damage to the inside of the transformer tank or reactor. in the process, the most likely cause of the noise or vibration assessment of 0.456 is the damage inside the tank, and the failure of the cooling system can cause the increased vibration and noise of the transformer or reactor with a probability degree of 0.17. 

4  conclusion

the study proposes equation system based on fuzzy relationships and pairwise comparison of the signs of faults in transformer or switching equipment. this approach does not require the development of a fuzzy rule base. it simplifies the notation of fuzzy cause-effect relations. 

the study does not consider the generating equipment of a power system, but only the electrical equipment of substations. 
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the proposed method of technical diagnosis based on fuzzy information allows us choos-ing the most reliable sign of damage in the presence of several alternatives and criteria. the decision-making process based on the results of technical diagnostics can be based on the symbiosis of fuzzy sets theory and the fundamental scale of paired comparisons using the saati hierarchy method. 

usage of artificial intelligence methods gets the possibility of final decision-making for two important cases:

•  further operation of the equipment with the more frequent parameters control (improper operation); 

•  immediate removal of the equipment for repairing (marginal state). 
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povwer compensation. The dates power ransformersand shun esctors sre designed for are
diferent bt thi constuction andtypes.of faults et 10 both ansformers and reacors
operaion llow s o refer o hem s “ranformer equipment”

“The tem “eansformer equipment” includes powe ransformers and of shunt rectors, the
design of whichis similr, and, in the context, we ae nterested in diagnosing these devices
s Baving the same defcts and symplonns. Along with this it s ecessary to diagnose the
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